AMENDMENT NO. 3 AUGUST 2020 
TO 


IS 5903 : 2014 REQUIREMENT OF SAFETY DEVICES 
FOR GAS CYLINDERS — SPECIFICATION 


( First Revision ) 


(Page 8, clause 7.3.2.3) — Substitute the following for the existing: 


‘7.3.2.3 Test to determine resistance to extrusion — Each sample shall be 
subjected to a maximum working temperature of 55°C for 24 h with a pressure 
equal to working pressure of a valve (cylinder). No leakage or visible extrusion 
of material shall be evident upon examination of the end exposed to atmospheric 
pressure.’ 


(MED 16) 
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